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This paper presents a current control technique for a three-phase grid- 
connected DC/AC inverter which is used in photovoltaic systems. A 
Proportional-Resonant (PR) controller is used for replacing the conventional 
Proportional-Integral (PI) controller in this system. By comparison with the 
conventional PI control method, the PR control can introduce an infinite gain 
at the fundamental frequency and hence can achieve zero steady-state error. 
The proposed model is based on two control loops: the first control loop 
regulates DC link voltage and the second one is used to keep the injected 
current to the grid in phase with the voltage by means of a Phase Locked 
Loop (PLL) in order to achieve a unit power factor and to adjust the output 
power as required. In order to examine the effectiveness of the suggested 
control, a simulation using the Matlab/Simulink software has been done and 
it’s concluded from the simulation results that the presented control by using 
the PR controller can be able to maintain maximum active power and to keep 
always a unity power factor despite variation load 
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1. INTRODUCTION 

In the present scenario of world energy sector, renewable sources are growing their importance day 
by day. Nowadays, more and more interest of photovoltaic (PV) energy has been focused on interconnection 
between the PV power systems and the grid. The connection of the photovoltaic system to the grid generates 
a phase shift between the voltage and the current injected into grid, and moreover, during a variation load, 
fluctuations appear in the voltage and in the output power and the studied system becomes unstable. For this 
reason, we need a power factor control which allows the achievement of unity power factor and the 
adjustment of the output power as required [1,2]. 

Generally, the grid-connected PV power systems mainly consist of a boost DC/DC converter and a 
DC/AC inverter. The DC/AC inverter is considered as the core of the whole system because of an important 
role in grid-connected operation, for this reason the current controller can have a significant effect on the 
quality of the current supplied to the grid by the PV inverter, therefore, it is important that the controller 
provides a high quality sinusoidal output by limiting the harmonics generated by these inverters in order to 
ovoid the adverse effects on the grid power quality. Two controllers which are used in current controlled PV 
inverters are the coventionnal PI controller and the PR controller. The purpose of this work is focused on a 
comparison between PI and PR current controllers of a Grid-Connected Photovoltaic System Under Load 
Variation [3]. The rest of this paper is organized as follows. Section 2 introduces some informations on the 
studied system. Section 3, develop the overall control schemes for both types of controllers (PI and PR 
controllers). Then, the obtained results using Matlab/Simulink are presented in section 4. Finally, conclusion 
is giving in section 5. 
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2. DESCRIPTION OF THE STUDIED SYSTEM 

In this paper, the design of a three-phase grid connected PV inverter is presented. The PV array used 
consists of 66 strings of 5 series-connected modules connected in parallel. A DC-DC Boost converter and a 
three-level voltage inverter are used to provide the flexibility of the system and the quality of the generated 
waves. The connection between the generator and the DC bus of the inverter require an interface to adapt the 
levels of variation of the voltage and the current between these two devices. Controlling the generated power 
requires varying the amplitude of the voltage at the ends of the generator, without changing the voltage at the 
DC bus. The three-level Voltage Source Inverter (VSI) regulates DC bus voltage and keeps unity power 
factor under variation load. In fact, the control system uses two control loops, an external control loop which 
regulates DC link voltage and an internal loop which regulates active and reactive currents components (Id 
and Iq). The output voltage of the converter and the inverter is controlled by the PWM modulator [4-10]. 

The principal specifications for this system are given in Table 1. 


3. ACTIVE AND REACTIVE POWER CONTROL 
3.1. PV Power Calculation 

The concept of this type of control is to impose the active and reactive power values injected into 
grid in order to keep unity power factor. By acting on the PWM control, the control loops, must impose the 
instantaneous values of the currents delivered by the inverter (i 0 i,io2,io3) in such a way that the currents 
supplied by the grid (i a ,ib,ic) become sinusoidal and in phase with the corresponding single voltages 
(V a ,Vb,Vc) [11]. We describe the active and reactive power of the three-phase grid-connected VSI in the Park 


reference (d, q), we obtain the following equations: 

P = \<y d i*+V q i q ) (D 

Q = \(y d -i,-V q .i d ) ( 2 ) 

We suppose that the three-phase grid voltage is ideally sinusoidal then, the grid voltage vector in the 
d, q frame is given by the following equations: 

V d = V (3) 

K=0 (4) 

Consequently, equations (1) and (2) can be rewritten as (5) and (6): 

p = \<VM ( 5 ) 

Q = \(V d -i q ) (6) 


We note from the last equation that the active power depends on the d-axis current, and the reactive 
power depends on the q-axis current. Furthermore, to achieve unity power factor, the q component of the 
command current vector is should be set to zero. The relation ship between the instantaneous active power 
exchanged between the PV array and the grid in the event of a lossless power transmission between the two 
is given by (7): 

p pv = p = \(y d .i d ) (?) 

3.2. DC bus voltage regulation 

The regulation of DC bus voltage is effected by absorbing or supplying the active power to the 
electrical grid. In the DC voltage loop, we regulate the Vdc voltage to a constant value which is Vdc_ref, the 
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error is defined as the difference between the measured voltage Vdc and the reference voltage Vdc_ref, (e = 
Vdc — Vdc_ref) [12,13]. In the case where a PI corrector is used, the output of this corrector is the reference 
of the direct component of the current injected into grid Id_ref as show in figure 1. 



Figure 1. DC bus voltage control loop 


The closed-loop transfer function of dc voltage regulation, obtained from figure 1, has the 
following form: 


v 


dc 


i + % 

K : 


V dc_ref 1 + Ep. p + — p 2 

K- K, 


(8) 


The damping ratio 


K 

CO 

n 


be designed as follows: 




. Thus, the parameters of the voltage regulator can 
K t 


Ki = c.co n 2 
Kp = 2 4-c.co n 

3.3. Synchronisation of the PV pannel with grid 

The synchronization control over the evolution of the network voltages is based on the three-Phase 
Locked Loop. It consists to apply an inverse Park transformation on the phase voltages of the grid. The q-axis 
component generated by this transformation is locked to zero by acting on the angle of the Park reference in 
order to generate the synchronization angle 0. 

When the difference between grid phase angle 0r and the inverter phase angle 0 is reduced to zero 
(A0= (0r-0) = 0), the PLL became active [14,15]. 



Figure 2. Block diagram of PLL 


3.4. Current control 
3.4.1. PI Controller Design 

To connect the voltage inverter in parallel with the grid and make it works as a power source, we 
consider an inverter connected to grid, via resistor R and inductance L [16]. The equivalent three-phase 
system in terms of fundamental component is shown in Figure 3. 
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Figure 3. Diagram of an inverter connected to grid 


Using Park transformation, the components of the active and reactive current are given by (9): 
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Furthermore, by using Pi-type regulators, a fast-dynamic response and zero steady-state errors can 
be achieved. The two new variables presented in (10) present are the outputs of the control system consisting 
of two PI controllers: 


*1 =j(V d -e d )&x 2 =j-(y g - e g ) 


( 10 ) 


The values of idref and i qre f are the references of the active and reactive currents: 

V = (href ~ h ) (K P + -p } ~ 

X 2 = (^ref ~ ^( K p + “^") + ^ 


(ID 


( 12 ) 


We apply the Laplace transformation to (9), (10), (11), (12). We obtain the closed-loop transfer 
function of current loops as shown in (13): 

i+A 

F(p') = — = — = -§- ( 13 ) 


l dref Iqref 


K +- 2 

1 + P ^-L + ^- 

K K 


The damping ratio 


K +* 

K = P L and _L_ — _L 


G>„ 


K, 


= —— Thus, the parameters of the current regulator 


coS K, 


can be designed as follows [17]: 


Ki = con 2 

I<p = 2^^/z- 
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3.4.2. PR Controller Design 

The PR current controller Gpr(s) is represented by the following equation : 

Gpr ~ K p + Kj — — (14) 

S + COq 

Where, Ki is the integral gain term, coo is the resonant frequency [18,19] and Kp is the proportional gain term, 
it determines the dynamics of the system; bandwidth, phase and gain margins. The ideal resonant term on its 
own in the PR controller provides an infinite gain at the ac frequency coo and no phase shift and gain at the 
other frequencies as presented in [20]. 

Unfortunately, the ideal PR controller acts like a network with an infinite quality factor, which is 
hard to implement the PR controller in reality. Firstly, the infinite gain introduced by PR controller leads to 
an infinite quality factor which cannot be achieved in either analog or digital system. 

Secondly, the gain of PR controller is much reduced at other frequencies and it is no adequate to 
eliminate harmonic influence caused by grid voltage. For these reason, in our study we chose an 
approximating ideal (non-ideal) PR controller which is given by (8), using a high-gain low-pass filter to solve 
the problems mentioned above. 

Equation (12) represents an ideal PR controller which can give stability problems because of the 
infinite gain. To avoid these problems, the PR controller can be made non-ideal by introducing damping as 
shown in (13) below: 


g pr = k p+ k, 


Ico.s 


S + 2 Q)„ .S + COr\ 


(15) 


Where, co c is the bandwidth around the ac frequency of coo- With (13) the gain of the PR controller at 
the ac frequency coo is now finite but it is still large enough to provide only a very small steady state error. 
This equation also makes the controller more easily realizable in digital systems due to their finite precision 
[21-23]. 

The frequency response of (12) is shown in Fig. 4(a), unfortunately, the ideal PR controller acts like 
a network with an infinite quality factor, which is hard to implement the PR controller in reality. Firstly, the 
infinite gain introduced by PR controller leads to an infinite quality factor which cannot be achieved in either 
analog or digital system. Secondly, the gain of PR controller is much reduced at other frequencies and it is no 
adequate to eliminate harmonic influence caused by grid voltage. The frequency response of (13) is shown in 
Figure 4(b), where the resonant peak now has a finite gain of 40 dB which is satisfactorily high for 
eliminating the voltage tracking error [24]. 
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Figure 4.a. Frequency responses of an ideal PR controller with Kp=l, Ki=100. 
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Bod-e Diagram 



Figure 4.b. Frequency responses of a non-ideal PR controller with Kp=l, Ki=100, <jo c =10 (rad/s). 


4. RESULTS AND ANALYSIS 

The obtained results using Matlab/Simulink are discussed in this section, Figure 5 shows the full 
detailed model which contains a PV array delivering to the grid a maximum power of 100 kW at 1000 W/m2 
sun irradiance. 

The detailed model contain: 

a. PV array delivering a maximum power of 100 kW at 1000 W/m2 sun irradiance. 

b. Boost converter increases voltage from PV voltage (273.5 VDC at maximum power) to 500 VDC 

c. Switching duty cycle of the boost converter is optimized by the MPPT controller that uses the P&O 
technique. 

d. 1980 Hz three-level three-phase VSI. The VSI converts the 500 VDC link voltage to 260 VAC and 
keeps unity power factor. 

e. Current regulator which provide a unity power factor using the PI and PR regulators. 

f. lOOkVA, 260V/25kV three-phase coupling transformer. 

g. Grid specifications (25 kV distribution feeder and 120 kV equivalent transmission system). 



Figure 5. Full detailled model and control using Matlab/Simulink 
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Figure 6 shows that the voltage and current injected to grid are in phase, which explains the single 
injection of the active power, and according to Figure 7 we notice that the reactive power is zero and that the 
active power reaches its maximum value (96.14 kW) which means that the simulation has given us the 
expected results and the control that we have established makes it possible to have a unity power factor. 


x 1Q 4 | Yojt&oa VWt — Cu ffQfti laCA} 



Figure 6. Fine to line voltage and current injected into grid 



Figure 7. Characteristic of active and reactive power injected into grid 


Figure 8.a and Figure 8.b show the frequency analysis of the grid current and its THD value by 
using the PI and PR controller, respectively. The simulation results show that the THD of the PR controller is 
much less than that of the PI controller, consequently the PR controller can track the sinusoidal reference and 
mitigate the harmonics better than PI controller which explain the high performance of this type of controller. 
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Figure 8.a. FFT analysis and THD value of grid current by using PI controller 
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Fundamental M Hi I =1A. TH D= 1.63V. 



Figure 8.b. FFT analysis and THD value of grid current by using PR controller 


Using a PI regulator, Figure 9.a shows that, after the addition of the inductive load at time t = 0.3 s, 
the current injected into grid becomes in phase delay compared to the voltage but after a few milliseconds, 
the two quantities V and I become in phase, unlike when using a PR regulator, as shown in Figure 9.b, the 
current and the voltage is always in phase despite the addition of the inductive load. For this reason, this 
figure shows the importance of the choice of this type of corrector in order to ensure a synchronization 
between the voltage and the current injected into grid despite the addition of the inductive load. 



Figure 9. Voltage and current injected to grid with variation load by using a: PI controller, b: PR controller 
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Similarly, the Figure 10 shows that when using a PI corrector, and at the moment when the 
inductive charge is added (t = 0.3s), the reactive power Q becomes positive and after a few milliseconds it 
retains its initial value, but using the corrector PR, the reactive power always keeps its value which is equal 
to zero which explains the high performance of this type of corrector and its ability to maintain a single 
injection of the active power and to keep always a unity power factor despite variation load. 



Timers) 


Figure 10. Active and reactive power with variation load by using PI ad PR controller 


For this purpose, the simulation shows the importance of the proposed work and gave us the 
expected results. Therefore, and compared to other researches [11,24], the PR corrector proposed allows us to 
have a unit power factor despite the addition of the reactive load and especially without influencing the pace 
of the reactive power and without introducing any instantaneous phase difference between the voltage and 
the current injected into grid. 


5. CONCLUSION 

This paper has presented a comparison between standard PI and PR current controllers in grid- 
connected PV systems. After the modeling of the three-phase grid connected PV systems and the power 
factor control schemes, the obtained results are very important and satisfactory. They show that the proposed 
model with the PR controller correctly describes the dynamic performance of the PV system studied. The PR 
corrector can track the sinusoidal reference and mitigate the harmonics better than PI controller, moreover, 
the PR corrector allows us to have a unit power factor despite the addition of the reactive load and especially 
without influencing the pace of the reactive power and without introducing any instantaneous phase 
difference between the voltage and the current injected into grid. 


APPENDIX 


Table 1. Photovoltaic Parameters 


Temperature 

T 

25 

°C 

Open circuit voltage 

Voc 

64.2 

V 

Short circuit current 

Isc 

5.96 

A 

Voltage, maximum power 

F max 

54.7 

V 

Current, maximum power 

Imax 

5.58 

A 

Maximum power 

P max 

305 

W 
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